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V
8503070454 Forwards info request for review matl re thermal hydraulics, criticality & shielding & structural design.per NUH-001, Rev O.dtd Nov 1984.Response due by 850315.
ROBERTSJ.P.   Advanced    Fuel   &   Spent   Fuel    Licensing   Branch.    85/02/28. MASSEY.J.V. NUTECH Engineers, Inc. 4pp. 29269:358-29269:361.
8503070587 Forwards listing of topics re health & safety at either West Valley Project or repository .to be covered at Mar 1085 rneotino.
CLARK.A.T. Advanced Fuel & Spon! ^LJO: L-censmc) Branch. 85/02/27. HANNUM.W.H. Energy, Dept. of, idano Oporai-cns Office. 5pp. 29282:183-29282:187.
8503080451 Notes error in encl VJ Bernhart 850215 Itr re topical SAR for CASTOR W 21 Cask ISFSI.Ref to 850122 Itr incorrectly refers to 850124 submission date. ROBERTS.J.P. Advanced Fuel & Spent Fuel Licensing Branch. 24903. 85/02/27. Advanced Fuel & Spent Fuel Licensing Branch. 1p. 29298:350-29298:352.
-8503080454 Forwards Rev 1 to "Topical SAR for CASTOR V/21 Cask ISFSI (Dry Storage)." Ltr supersedes 850124 Itr.W/o encl.
BARNHART.V.J. General Nuclear Systems, Inc. 85/02/15.  ROUSE.LC. Advanced Fuel & Spent Fuel Licensing Branch. 1p. 29298:351-29298:352.
8503260080 Notifies that Projects M-33 & M-36 will be open until 850528,per 850226
ROUSE.L.C. Advanced Fuel & Spent Fuel Licensing Branch. 85/03/18. BEST.R.E. Ridihalgh, Eggers & Associates, Inc. 1p. 29519:073-29519:073.
8503260579 Summary of 850214 info exchange meeting w/DOE/Dames & Moore, State of NY ERDA/Environsphere,NRC/ORNL & USGS at West Valley.NY re hydro-logic aspects of site disposal areas.
DAVISON.N.H. Advanced Fuel & Spent Fuel Licensing Branch. NICHOLSON,!J. Earth Sciences Branch (post 840429). 85/03/20. ROUSE.LC. Advanced Fuel & Spent Fuel Licensing Branch. BERATAN.L.L Earth Sciences Branch (post 840429). 14pp. 29519:195-29519:208.
8503270060 Advises that sales of 2,023 dry storage cask technology being actively pursued.NRC requested to hold open dockets for 90 days in anticipation of future continued activity.
BEST.R.E. Ridihalgh, Eggers & Associates, Inc. 24927. 85/02/26. ROBERTS.J.P. Advanced  Fuel & Spent Fuel  Licensing Branch. 2pp.  29541:069-29541:070.
8503290225 Forwards new approval & control page of "QA Plan for CASTOR Dry Spent Fuel Storage/Transport Cask." Original page inadvertently stamped proprietary & needed to be replaced w/nonproprietary page. BARNHART.V.J. General Nuclear Systems, Inc. 24942. 85/03/06. ROUSE.LC.  Advanced   Fuel  &  Spent   Fuel   Licensing   Branch.   3pp.   29563:287-29563:290.
-8503290226 Errata to Rev 0 to "QA Plan for CASTOR Dry Spent Fuel Storage/Transport Cask."
BONIFACIO.A.B.,  BARNHART.V.J.  General  Nuclear Systems,  Inc.  84/12/20.  1p. 29563:290-29563:290.
PT21 NONCOMPLIANCE REPORTS AMD RELATED CORRESPONDENCE
8502070363 Final Part 21 & Deficiency Rept 1 re defects in Bingham- Willamette Co QA program for spare parts.lnitially reported on 830307.Vendor will remfg pump internal components & spare parts.
HUFHAM.J.W, Tennessee Valley Authority. 85/01/17. O'REILLY.J.P. Region 2, Office of Director. 3pp. 28810:180-28810:182.
8503040114 Interim deficiency & Part 21   rept re defective  Paul-Munroe hydraulic operators.Initially reported on 841214.Caused by hydraulic pump cycling more frequently than specified. Nonconforming valves will be replaced. ROOT,R.W.  Washington  Public  Power  Supply System.   G01-85-0009.   85/01/11. MARTIN.J.B. Region 5, Office of Director. 3pp. 29193:206-29193:208.
8503040480 Forwards Part 21 rept re energy absorbing pipe restraints w/ dynamic crush strength valves below accessible levels. Rept withheld (ref 10CFR2.790). GRAPER.H. Hexcel Corp. 85/02/12. MARTIN.J.B. Region 5, Office of Director, 2pp. 29179:178-29179:179.
8503070373 Part 21 rept re defective engine used for driving standby power generator at facility.Caused by loosened attachments separating piston from rod.Engine will be repaired prior to installation.
STOLBA.F.B. Cooper Industries, Inc. 85/03/04. Director's Office, Office of Inspection and Enforcement. 2pp. 29255:083-29255:084.
8503110204 Part 21 rept re fire dampers w/closure springs supplied by Ruskin Mfg Co.Deficiency identified in vendor 841106 Part 21 rept.Dampers being tested to evaluate possible closure problems under air flow conditions. SHIFFER.J.D. Pacific Gas & Electric Co. DCL-85-092. 85/03/05. EISENHUTAG. Division of Licensing. 1p. 29286:127-29286:127.
8503120126 Interim Part 21 & deficiency rept re Reliance Electric junction boxes-field mounting configuration.lnitially reported on 840720.Drawing revised to limit max distance between anchors.
FOSTER.D.O. Georgia Power Co. GN-522. 85/02/08. O'REILLY.J.P. Region 2, Office of Director. 4pp. 29344:160-29344:163.
8503120209 Part 21 & Significant Deficiency Rept SD 414/85-01 re CRD mechanism breech guide screws dropping out of position. Initially reported on 850121 .Eleven CRDs repaired by Westinghouse.
TUCKER,H.B. Duke Power Co. SD 414/85-01. 85/02/20. GRACE.J.N. Region 2, Office of Director. 3pp. 29343:293-29343:295.
8503120353 Part 21 & interim deficiency rept.ltem 179 re seismic interaction scenario of in-core flux mapping sys supplied by Westinghouse.Initially reported on 840622.Structural mods will be implemented.Final rept by 851231. PARSONS.R.M. Carolina Power & Light Co. NRC-323. 85/02/12. GRACE.J.N. Region 2, Office of Director. 4pp; 29343:016-29343:019.
8503120361 Part 21 & interim deficiency rept, I tern 204 re binding mechanical interlocks on two speed starters supplied by Gould.lnc.lnitially reported on 850122.Interlock actuation will be reworked.Fmal rept by 850415. PARSONS.R.M. Carolina Power & Light Co. NRC-325. 85/02/21. GRACE.J.N. Region 2, Office of Director. 4pp. 29343:004-29343:007.
8503130048 Final Part 21 & deficiency rept re possible failure of polycarbonate bowls on air filters for TDI engine control panels.lnitially reported on 850213.Polycarbonate bowls replaced w/metal bowls.
DALE.L.F. Mississippi Power & Light Co. AECM-85/0045. 85/02/18 GRACE.J.N. Region 2, Office of Director. !p. 29366:348-29366:351.
8503130078 Part 21 & Interim Deficiency Rept [RDC 125(85)] re closure problems of some Ruskin Mfg Co fire dampers. Initially reported on 850129-Evaluation continuing.Next rept will be submitted by 850430.
EDELMAN.M.R.   Cleveland   Electric   Illuminating   Co.   [RDC   125(85)].   85/02/27. KEPPLER.J.G. Region 3, Office of Director. 2pp. 29378:347-29378:348.
8503130168 Part 21 & interim deficiency rept.ltem 198 re incorrect matt used in Brasch Mfg Co air flow switches for electric heating coils.Initially reported on 850117.Glass scale ends will be replaced by Brasch.Final rept by 850401 PARSONS.R.M. Carolina Power & Light Co. NRC-324. 85/02/13 GRACE.J.N. Region 2, Office of Director. 5pp. 29366:071-29366:075.
8503130522 Part 21 & final deficiency rept.ltem 186 re metal fatigue on 6.9-kV switch-gear circuit breakers & secondary disconnect lugs anti-pump relay jumper.Initially reported on 841130. Siemens-Allis corrected problem. PARSONS.R.M. Carolina Power & Light Co. NRC-322. 85/02/14. GRACE.J.N. Region 2, Office of Director. 4pp. 29348:349-29348:352.
8503130609 Final Part 21 & deficiency rept.ltem 178 re Guyon Alloys & Bonney Forge sockolets & weldolets.incorrectly qualified as ASME Class 2.lnltially reported on 840619.Fittings returned to vendor for chemical overchecks & deemed acceptable PARSONS.R.M. Carolina Power & Light Co. 178. 85/01/30. O'REILLY.J.P. Region 2, Office of Director. 4pp. 29347:287-29347:290.
8503140073 Interim Part 21 rept re heat load of EMD diesel engine Model 645 w/auxil-iaries & accessories.Initially reported on 820901.Plant-specific evaluations encl JONES.W.F. Morrison-Knudsen Co., Inc. 85/03/01. GRACE.J.N. Region 2, Office of Director. 99pp. 29351:282-29352:019.
8503150246 Potentially reportable 10CFR21 rept re diesel generator mfg facility in Rocky Mount.NC.Sun gears found w/grinding notches at or below optimum radius at root of gear tooth on locomotives.but not on standby generator sets GRAYSON.M.D. Morrison-Knudsen Co., Inc. L-QTS-85-002. 85/03/05. TAYLOR.J. NRC - No Detailed Affiliation Given. 7pp. 29370:225-29370:231.
8503150254 Final Part 21 & Deficiency Rept [RDC 126(85)] re engine control air filters supplied by TDI.New metal bowl filters rated at 250 psig installed. EDELMAN.M.    Cleveland   Electric   Illuminating   Co.   [RDC    126(85)].    85/02/27 KEPPLER.J. Region 3, Office of Director. 2pp. 29394:288-29394:289.
8503150382 Interim deficiency & Part 21 rept.ltem 205 re defective matl in instrumentation fittings  supplied by Cross  Process  Instrumentation Co.Initially  reported on 850129.Next rept will be submitted by 850530. PARSONS.R.M. Carolina Power & Light Co. NRC-326. 85/02/27. GRACE.J.N. Region 2, Office of Director. 1p. 29392:327-29392:327.
8503150416 Part 21 rept re operating difficulties w/two Gould Electronics switches & ends utilizing rotary operating handle mechanisrns.lnitiaily reported on 850301 .Switch & encl will be replaced at Millstone.
COUNSIL.W.G. Northeast Utilities. 811479. 85/03/06. MURLEYJ.E. Region 1, Office of Director. 4pp. 29373:126-29373:129.
8503150451 Part 21 rept re degradation of 125-volt dc battery.Thirty cells on battery show corrosion around weld between plates & internal bus bar.GNB Batteries.lnc 58 Cell NCT-1344 lead calcium battery purchased to replace existing battery. RYBAK.B. Commonwealth Edison Co. 9832N. 85/03/04. KEPPLERJ.C. Region 3. Office of Director. 2pp. 29371:316-29371:317.
8503180150 Part 21 rept re cracked weld in coil guards - conical baffle.LILCO has copy of Weld Procedure iVPS--ao.2-70Q.IilC, Rev 0 & will arrange to perform repairs. LEUSINK.H.H. Lcus-A:;,s C~. 55/03/06. MURLEYJ.E. Region 1, Office of Director. 2pp. 29386:047-29386:048.
8503180316 Part 21 rept re potential defect in component of DSR or DSRV standby diesel generator.Potential problem may exist w/check valve.supplied by Williams Gauge Co.in on-engine mounted starting air piping.causing engine nonavailability. BOYER.R.E. Transamerica Delaval, Inc. 85/03/12. Director's Office, Office of Inspection and Enforcement. 5pp. 29386:252-29386:256.
8503180346 Eighth interim deficiency & Part 21 rept.ltem 41 re failure of Westinghouse reactor protection sys following secondary high energy line breakJnitially reported on 800707.Design changes issuedNext rept by 850430. PARSONS.R.M. Carolina Power & Light Co. NRC-329. 85/02/26. GRACE.J.N. Region 2, Office of Director. 4pp. 29419:244-29419:247.
8503190390 Second supplemental deficiency & Part 21 rept re adaptor keyway on 8-inch Borg-Warner globe valves.Initially reported on 840131.Corrective action will be completed by 870926.
HUFHAM.J.W. Tennessee Valley Authority. 85/03/01. GRACE.J.N. Region 2, Office of Director. 1p. 29409:030-29409:030.
8503190395 Third interim deficiency & Part 21 rept.ltem 157,re GH Bettis operators on Ruskin-supplied HVAC dampers. Lubricant & seals replaced in affected actuators on dampers. Final rept will be submitted by 850410. PARSONS.R.M. Carolina Power & Light Co. NRC-327. 85/02/25. GRACE.J.N. Region 2, Office of Director. 4pp. 29407:095-29407:098.
8503190573 Interim Part 21 rept re potential problem w/check valve.Util performed only visual exam of valve disks.Name plates of valves will show company names Cloy Corp & Williams-Hager Co.
BOYER.R.E. Transamerica Delaval, Inc. 85/03/14. Director's Office, Office of Inspection and Enforcement. 1p. 29407:078-29407:078.
8503210215 Part 21 & second interim Deficiency Rept NCR 3511 re various deficiencies involving Lambda power supplies.Initially reported on 841025.Util evaluating deficiencies to determine appropriate corrective action. HUFHAM.J.W. Tennessee Valley Authority. NCR 3511. 85/02/27. GRACE.J.N. Region 2, Office of Director. 2pp. 29477:279-29477:280.